A : 


sec mm 4 






1A 


. flf " .v; ft. 


met 4 




1A 


NOTE 4 It 5 
3 





ornct 


orncE 




it 


CrFiCE 





30cd SU'T |l 


ROGM 


15/75cd 


ROOM 
15/75a* 

^SEE NOTE 



15cd 


30cd 


1A 


30c<J 





SU?T 12 


SEE NOfTE 2 


SEE NOTE 5 


SUIT 13 


1A 

TO BE 

tN PLACl 


SUIT |U 




T-NW 




IDONEO 


SUIT #13 


SEE NOTE 2 
15cd 



15cd \M ^ j^ooy ' 


SUITE IMj 
15cd 1A 






EXISTING 
CKT STR-0 
TO TSC-M 
(TO REMAIN) 


1A 

CKT STR-E 
TO TSCf-M 


i f 









' #6 

t5cd ^ 



SEE NOTE 2 


t5cd 


1A 

TO _^ 
IN PUC 


TO BE >pNOONE0 


SEE NOTE 6 





15cd 

^SEE NOTE 2 /t5/75cd 


E.O.U 


TO BE ABANDONED 

IN_Pl^E . 


15cd 





STR CKT 
TO \TSC-M TO 
ABANDONED s IN 
P 







\ 




V- am 


E.O.L 



SEE NOTE 3 



^1A 


7,1 







MENS 
R/R 



i service: f 

ROOV 


15c<J 





n 


^ I. 

Jf 



i1 R 


15c*==4 




1A 


WOMEN'S 
R/R 

15cd 




1A 

CKT STR-r 
TO TSC-M 


15cd 


storaCe 


t CSC 


1A IN 3/4^ GSC.Tv^f 
SEE NOTE t / T\ 


EXISTING,, * «^ 
fnOR-W)UTING=AIX: 
CKTRYiTOti TSC-M 




lA 

CKT STR-C 
TO TSC-M 


LOS' 


lElEVATOR k*AI>!N£ ROOk 


EXISTING 
TSC-M 










1A 



EiEVA'OR 










ROOM 




15cd 






VE\3=\G 


^ : ^ ^„.^^ 



»-» ^ V 


15cd 


;'A^R J g 




T-SW 


15cd 


GENERAL 

C^rcE 


TO BE REMOVED 



15cd 


GENERAL 


15cd 1A 


/l5/75cd 


1A 


SEE NOTE 4 



FIRE ALARM 
CLOS 



i I 


MOTOR 
ROOM 


INFERENCE 
ROOM 



j E-S 


1A H \ 
CKT STR-8 
TO TSC-M i 


2A IN 5/4' GSC. 
SEE NOTE 7 


llOcd 



15cd 



15/75ed 


SEELJtPTE 




1A 

30cd 

SEE NOTE 4 ae 5 


1A 

CKT STR-A 
TO TSC-M 


75cd 


CEf'^ERAL 

NOTE 4 


30cd 


CENlRAL 
OrFCE 


GEMDUi 
OfFCE 


GE NERA.L 
CFFCE 





1A 


15cd 



i 



1* 


! 


^-~<SERViCE) 


15cd 


LUNCH 

R0( 


1A 


ir ROOM 




RECEPTION 
EO.L L03BY 


RECEP'ON 


1A 


.1.. 



O^FiCE 


CF^CE 




30cd 



^1 


^ 5 


OFrtcE 


\ r*** t y ** i 

fj! 



mCEI 


;ofr!Ct) 



I jMhiim-i 


NOTE: 


4. 


7. 


FOR LEGEND. ABBREV1ATK>NS AND GENERAL NOTK. SEE OWG. E-1. 

LEAVE 8' COILED CABLE (TAG AND TAPE C0MXK:T0R ENDS) AT 
EXISTING STROBE (N THE SUSPEND) CEIUNG. OtSCONNECTK)N OF 
EXISTING STROBE CIRCUIT VWRING AND RNAL CONNECTK)N TO 
TO EXISTING STROBE WU BE MADE BY OTHERS- 
LEAVE 8' COILED CABLE (TAG AND TAPE CONDUCTOR ENDS) AT 
EXISTING STROBE IN THE SUSPENDQ) CEIUNG. OISCONNECTK>N OF 
EXISTING E.O.L RESISTOR AND FINAL CONNECTK>N TO EXISTING 
STROBE Wia BE MADE BY OTHERS. 

DISCONNECT STROBE AND ABANDON WIRING IN PUCE (TAG Sc TAPE 
CONDUCTOR ENDS). AND REWIRE AS SHOWN. 

REPLACE EXISTING STROBE WfTH 30 CANDEU RATED STROBE AND 
WIRE AS SHOWN (UT1U2E EXISTING BACK BOX AND CONDUIT STUB). 

AFTER INSTALLED STROBES ARE TESTED AND OPERATIONAL. REMOVE 
STROBE AND REWKN TO AUTHORfTY. AND INSTAa BLANK COVER PLA 
AND PAINT (MATCH TO EXISTING WAa RNISH). 

THIS COMBINATION SPEAKER/STROBE AND ASSOCIATE CONDUIT 
ARE ALSO SHOWN ON SPEAKER INSTALUTION PLAN OWG E-3 


STROBE CIRCUrr/LQADING TABLF 


STROBE 
TYPE AND 
RATING 

TYPE 

15cd 

t5/17cd 
(OdSTlNG) 

30cd 

75cd 

nocd 

CURRENT 
PER CIRCUfT 
(AMPS,) 

CIRCUfT 
LENGTH 
(ft.) 

IN AMPS (A) 

0.080 

0.115 

0.135 

0.245 

0.300 

QUANTITY 

OF 
STROBES 

PER 
CIRCUfT 

STR-A 

4 

3 

4 

1 


1.450 - 

270 

STR-B 

7 


I 

2 


1.185 

330 

STR-C 

7 



1 

2 

1.405 

245 

STR-D 

12 


2 



1.230 

370 

STR-E 

7 

3 

3 



0.930 

325 

STR-F 

12 


2 

1 


1.750 

295 

GRAND TOTAL 


1835 


N 



1 WTC L 




6 


12 


18 


24 


SCALE IN FEET 


Sheet 6 
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^proved 



]>esi 




entleif 
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Dppalrtmen 


WSHdilirSdS 


Tttte 


RRE ALARM SYSTEM 
DEVICE UPGRADE 
PHASE III 


ELECTRICAL 


1 WTC 
46th FLOOR 

STROBE INSTALLATION 

PLAN 


This droiaift^ subject to conditions fi ccntrocl. 
Alt inv«>ntions, ideos. desiqns ond methods 
herein ore reserved to Port Authority ond 
moy not t>e used without ^ts written con^nt. 
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